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AMENDMENT NO. 1 OCTOBER 1995 

TO 

IS 10592 : 1982 SPECIFICATION FOR INDUSTRIAL 

EMERGENCY SHOWERS, EYE AND FACE FOUNTAINS 

AND COMBINATION UNITS 

( Page 6, clause 4.1.3, line 4 ) — Substitute '110 1/min' for '250 to 300 
1/min'. 

( Page 11, clause 6.1.2, line 2 ) -— Substitute '294 kPa' for '2.94 kPa '. 
(CHD008) 
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Indian Standard 

SPECIFICATION FOR INDUSTRIAL 
EMERGENCY SHOWERS, EYE AND FACE 
FOUNTAINS AND COMBINATION UNITS 

0. FOREWORD 

0,1 This Indian Standard was adopted by the Indian Standards Institixtion 
on 30 September 1982, after the draft finalized by the Industrial Safety 
Advisory Committee had been approved by the Executive Committee. 

0.2 The Factories Act, 1948, and the various Rules framed thereunder 
require that hazardous chemicals should be e^tpeditiously removed from 
direct contact with body by taking suitable steps. Specially when a corro- 
sive or irritating chemical affects a vital organ like the eyes, the effects may 
range from mild irritation to severe burn injuries. In such situations, it is 
essential that the body and eyes are washed with large volumes of clean 
water for removal of the chemicals as well as for its dilution. Such 
flooding with large volumes of water also dissipates the heat generated 
during a chemical reaction which may take place between the chemical 
and water. It is essential that in all areas where exposure to such corro- 
sive or toxic chemicals is possible, adequate eye and face protection of 
proper type is used by the concerned persons. Siich protection for eyes, 
face and entire body can be easily pr*ovided by emergency eyewash fountains 
and emergency safety showers, if they are suitably located and properly 
designed and maintained. 

. 0.2.1 It should, however, be emphasized that emergency eyewash, 
shower, and combination units are not a substitute for proper primary 
protection devices. As a defence against flying solid. particles and splash- 
ing injurious liquids, workers should wear eye and face jDrotectors and 
protective clothing. 

0.3 It is a general pra ctice in many industries to install eye and face wash 
facilities and emergency safety showers as a combined and integrated unit. 
However, there are also situations and locations where only eye and face 
washing facilities or only emergency safety showers would be adequate. 
Since the basic principle in their use is the same, this standard includes 
provisions in respect of both the devices. 
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0.4 It is recoinmeiided that the delivered water should not be at a tempera- 
ture that might be expected to discourage the unit's effective use under 
emergency conditions, A comfortable range is 15 to 35°C. In circum- 
stanceSj where chemical reaction is accelerated by water temperature^ the 
physician should be consulted for the optimum temperature for application, 

0.5 Throughout this standard, minimum wat^r capacities have been rated 
at an inlet supply pressure of 196 kPa ( 2 kgf/cm^ ), This inlet pressure, 
while below that what is normally considered a proper criterion for design, 
294 kPa ( 3 kgf/cm^ ) has been chosen because of the installation require- 
ments that may find units located at unusual distances from normal supply 
lines, 

0.6 In the preparation of this standard liberal assistance has been derived 
from the following documents: 

Selection and use of eyewash fountains and emergency showers, 
Chemical Engineering. 15th Sept, 1975. 

United States of America. Occupational Safety and Health Act, 
( General Industries Standards applying to eyes stroke faice wash 
fountains and emergency showers ). 

Use of water in emergency treatment of chemical eye injuries, 
American Medical Association. Vol. 168, p, 47, Sept. 6, 1958. 

ANSI Z 358-1 —"1981 Emergency Eyewash and Shower Equipment. 
American National Standards Institute, 

0-7 For the purpose of deciding whether a particular requirement of this 
standard is complied with, the final value, observed or calculated, express- 
ing the result of a test or analysis shall be rounded off in accordance with 
IS: 2- 1960*. The number of significant places retained in the rounded 
off value should be the same as that of the specified value in this standard. 



1, iSCOPE 

1.1, -This standard prescribes : minimum performance requirements for 
emergency showers, eye and face fountaiiis, and combination units, . 

2. TERMINOLOGY 

2.0 For the purpose of this standard, the following definitions shall apply,"- 

2.1 Combination Unit ~r— A unit combining a shower and e;y ewash j or , 

eye/face wash,, and/ or drench hose into one common assemb ly.' 

*.Ru]e9 for rounding off numerical values ( rem^fif ), ' ^; ; ■* :'/. ■ 
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2*2 Emergency Shower — A unit that enables users to have water 
cascading over, their entire body. 

2.3 Emergency Shower Head — A specially designed head for use on an 
emergency shower. 

2-4 Eye/ Face Wash — A device used to irrigate and flush both the face 
and the eyes. 

2.5 Eyewash — A device used to irrigate and flush the eyes. 

2.6 Flow Pressure — The gauge pressure measured at the pipe wall 
during flow. 

2.7 Flow Regulator — A mechanical device to control the flow of water 
through pipes. 

2.8 Hand Held Drench Hose — A flexible hose connected to a water 
supply and used to irrigate and flush eyes, face^ and body areas. 

2.9 Multiple-Spray Shower — An emergency shower using more than 
one head and delivering water from more than- one direction. • 

2.10 Plumbed Eyewash — An eyewash unit permanently connected to a 
source of potable water, and meeting the performance requirements of this 
standard. ■ 

2.11 Self-Closing Valve — A valve which closes automatically when 
released. 

2.12 Self-Contained Eyewash — An eyewash that is not permanently 
installed and must be refilled or replaced after use, and meets the perfor- 
mance requirements of this standard. 

2.13 Stay-Open Valve — A valve wloich has to be manually closed. 
3. LOCATION 

3.1 Emergency face/eye wash fountain and showers or combination urjits 
shall be located in all areas where there is a possibility of chemical splash 
injury of eyes or face or body, or exposure to irritating chemicals. These 
facilities shall be located in such a way that they do not pose a problem by 
reaction with water sensitive chemicals and shall be so arranged that there 
is no obstruction in going from the work spot to their location. 

3.2 The facilities shall be located at a convenient place. As far as possible, 
they should be within a distance of 15 m from, the place of work. 
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3.3 Proper drainage system shall be made for quick disposal of used water, 
4. EMERGENCY SHOWERS 
4.1 Basic Design 

4.1.1 The emergency safety shower ( see Fig, 1 ) should wash the entire 
body surface with large volumes of water in the shortest possible timCi 
This device essentially differs from an ordinary domestic shower in its ' 
capacity and manner of delivering water, 

4.1.2 Emergency showers are generally of two designs, namely, overhead 
single dome type, and multiple nozzles spray type. 

4.1«i3 Because of the deluge action required, water pressure Ixead for the 
emergency shower shall be not less than 196 kPa ( 2 kgf/cm.^ ) and the 
total water delivered from the shower or the spray nozzles shall be not less 
than 250 to 300 1/min. The emergency showers may be actuated by a 
step-on foot valve which may be of the self-closing type, or hand-operated 
self-closing or stay-open type which may be operated by a chain or pull 
rod. 

4.1.4 The shower should be operated by gravity flow of water and hence 
is not considered ideal for cleaning of eyes. 

4.1.5 The overhead shower dome should preferably to provided with 
means to introduce even peripheral dispersion of water in a cone to cover 
a large area while ensuring the deluge action. 

4.1.6 Water to the shower and washing facility shall be clean and of 
potable quality. In addition to the filter elements suggested in the eyewash 
heads, siiitable capacity filter should be installed in the main inlet line to 
the washing facility. Such filters shall be regularly checked and renewed 
at least once a month. 

4.1.7 The eyewash fountains and showers shall be made frona corrosion- 
resistant materials. This aspect shall be looked into to ensure proper 
maintenance and repairs. The encased components shall be made from 
such materials as would not lead to internal corrosion and choking of .the 
pipeline and fittings. 

4.1.8 A multiple spray shower may-be provided with 15-20 , spray 
' nozzles suitably located to direct flow of water from head to foot from all 

sides. The spray nozzles sh^ll be designed for two rates of flow at 196 kPa 
( 2 kgf/cm2 ) waterhead, namely 5 and 15 min. The spray nozzles shall be 
so designed as to deliver a spray of rinse water without harsh jets or 
misting. The water con^ shall have vortex angle of 45°. , 
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Fig. 1 Emergency Safety Shower 
4.2 Performance 

4»2.1 Shower Head — Emergency shower head shall be so designed that 
a water column is provided that is not less than 210 cm, not niore than 
2,40 cm in height from the standing level. The water column shall have a 
minimum spray pattern diameter of 50 cm at 150 cm height from the 
standing level, and th^ centre of the spray pattern shall be located at least 
40 cm from any obstruction or emergency shower head shall be designed 
so that it produces , a straight water CGlum.n. Enaergency shower head 
shall be capable of delivering a minimum of J 10 1/min of water, which shall 
be substantially dispersed throughout the pattern. -" * 

^t.2-2 Control Valves — The. valves shall be designed in ,;juch si manner 
that the water flow remains on witihout requiring* the use of tht operator's 
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liands. The valve shall l.-)e capable of remaining activated until intentionally 
sliut ofF. I'lie valve shall l^e simple to operate and go Irom 'off' to 'on ' 
in 1 second or less. The valve shall be icorrosion-resistant to potable water. 

4,2.3 Valve Actuator — Stay-open or self-closing actuators shall be easily 
located and readily accessible to the user. 

4.3 Installation Procedure — The unit shall be connected to a potable 
water supply capable of delivering not less than 110 1/min by the method 
shown in the manufacturer's instructions, 

4.4 Testing 

4.4.1 Connect a flow meter to the shower to be tested, or provide other 
means of measuring water flow. 

4.4.2 Attach the shower to a 25 mm nominal bore pipe having minimum 
water supply. The shower head height. shaU be 210 cm from the standing 
level. The water supply shall have a control valve or pump system that 
may be adjusted. 

4.4.3 Open the valve on the emergency shower. 

4.4.4 Adjust the control valve on the water supply to deliver a mini- 
mum of 110 I/min and ensure that water is substantially dispersed 
throughout the pattern. Measure the diameter of, the water pattern 150 cm 
from the standing level. Visually record the diameter of the spread. 

4.5 Maintenance and Trailning 

4.5.1 Showers and spray nozzles shall be checked at least once a week 
to ensure proper functioning. They shall be actiyated daily to flush the 
line and to verify proper operation. 

4.5.2 Individuals shall be instructed in the proper use of emergency 
showers. . 

5. EYEWASH FOUNTAINS 
5.1 Basic Design 

5.1;1 Eyewash fountains ( see Fig. 2 arid 3 ) are usually provided with a 
pair of eyewash heads and a receptacle for collection and drainage of 
spilled water ^ It shall be capable of operatiori by either a self-closing' or a 
stay-open valve. The advantages of a stay-open valve are that the water 
flow is uninterrupted and the injured person is free to -use both the hands 
to have better irrigation of the eyes. ' .' ; '•';■ 

5.1.2 Each eyewash head shall be provided with a built-in particulate 
filter as well as suitably designed atomiser or without such arrangement, 
for ensuring soft flow and even dispersion of water. 

8 
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5,]1.3 Eyewash fountains shall be connected with a source of clean and 
cool water supply at a pressure head of approximately 196 kPa ( 2 kgf/ 
cm2 ). 




y///y^/////// //////}///////^///, 



Fig. 2 Eye Wash Fountain 

5.1,>4 Eyewash head shall be provided with built-in pressure and com- 
bined flow compensation so as. to regulate thb flow of water at the eyewash 
heads at approximately 16 1/min per head. 

5.1„5 Eyewash heads shall be so designed or oriented as to give a 
combined flow of water covering both the eyes. The centre to centre 
distance between the eyewash heads should be 140 to 200 mm approxi- 
mately. 

5,2 Performance 

5.2,1 Eyewash Fountain 

5.2.1.1 A means shall be provided to assure that a controlled flow of' 
potable water or its equivalent is provided to both eyes simultaneoulsy at . 
a low enough velocity so as not to be injurious to the user. 

5,2.1.2' There shall be^inno; sharp projections viany Where in the; 
operating area of the unit, -. 
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Fig. 3 Fage/Evewash Fountain 

5.2.1.3 Nozzles shall be protected from airborne contaminants. 
Whatever method is used to afford such protection, the removal shall not 
require a separate motion by the operator when activating the unit. 

5.2.1.4 Eyewash equipment shall be capable of deKvering to the eyes 
not less than 1 '5 1/min for a period of 15 minutes. 

5.2.1.5 The unit shall be designed in isuch a way as to provide 
enough room to allow the eyelidis to be held open while the eyes are in the 
water stream, - 

5.2.2 Control Valves — The valve shall be designed in such a manner , 
that the water flow remains on without requiring the use of the operator *s 
hands. The valve shall be. capable of remaining activated until, intentionally 
shut off. The valve shall be simple to operate and go from *ofF' to^pn* 
in 1 second or less. The valve shall be corrosion resistant to potable 
water. The valve actuator shall be large enough to be easily located and 
operated by the user. 

5.3 Installation Procedujres — Upon installation, operate valve and 
determine that bolh eyes are washed simultaneously at a low mtough 
velocity so as not to be injurious to the user. - -. . ^ 



10 
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5.4 Testing 

5.4.1 Connect a flow-meter to eyewash to be tested, or provide other 
means of measuring water flow. 

5.4.2 Attach the plumbed unit to a water supply line at 1 96 kPa ( 2kgf/ 
cm2 ) flow pressure. 

5.4.3 Open the valve on the eyewash unit Verify that it opens in one 
second and stays open. 

5.4.4 Using the flow meter or other meams, determine that the rate of 
flow is at least 1*5 1/min and that the flushing streams wash both eyes 
simultaneously . at a low enough velocity so as not to be injuiious to the 
user. 

5.5 Maintenance and Training 

5.5.1 Self-contained units shall be inspected for the free flow of water 
and checked for unobstructed passages. Correct functioning of the pressure- 
compensating devices shall be checked periodically . 

5.5.2 Individuals shall be trained in the proper use of emergency 
eyewash units. 

6. EYE/FACE FOUNTAIN 
6.1 Basic Design 

.JL.J. X* o.^^^ vvctOAJ. xv_ru.xifcUxi.Io i^c*&jn^M.xj,y va-rnvj ixwiXA ttJ-i i-/y \^ vv c*aXA iULUlLdllA ^ Oct/ 

Fig. 3 ) in that the water flow is arranged to cover the entire area of the 
face. It is usually designed in the form of a ring with 16 or more holes 
drilled at 15^ towards the centre of the nozzle/nozzle assembly in the 
vertical plane, to deHver a steady soft water flow or in a pair of heads ( see 
Fig. 1 ). This spraying may be combined with eyewash fountain to give the 
combination device. 

6.1.2 For the combination unit the inlet water pressure shall be a 
minimum of 2-94 kPa ( 3 kgf/cm^ ) if considered essential. 

6.1.3 Both the components should be provided with flow/pressure 
compensators so as to deliver a soft water flow of a minimum of 16 1/min 
from each head of the eyewash and 25 1/min from the spray. 

6.1-4 The spraying shall have a diameter of 200 to 300 mm. 

.6.1.5 Face/eyewash fountains can also be designed without spraying 
provided the larger capacity twin heads %xv^ full eye and face coverage. 

11 
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6.1.6 These spray units can be actuated by a self-closing or stay-open 
valve. Stay-open valve is preferable as it enables the victim to use both 
the hands for better washing. ^^ - 

6.2 Performance 
'6.2.1 Ejye I Face Fountain 

6.2.1.1 A naeans shall be provided to, ensure .that a controlled flow 
of potable water or its equivalent is provided to both eyes simultaneously 
at a low enough velocity so as not to be iniurious to the user, and to wash 
the'face simultaneously. _ . 

6.2.1.2 There shall be no. sharp projections anywhere in the 
operating area of the unit. 

6.2. 1 .3 Nozzles shall be , protected from > airborne " contaraiiiants. 
Whatever method is used to afford such protection, the removal shall not 
require a separate motion by the operator when activating the unit. 

■ ' " ■' - . " • ' 

6.2.1.4 Emergency eye/face wasl^ equipment' shall be capable of 
delivering to the eyes and face not Ifess than IG 1/min for a period of 
15 minutes. The unit shall be de^ignecL in such a way as to provide 
enough room to allow the eyelids to be held open while th.e eyes are in t"he 
water stream. , ' 

6.2.2 Control Valves — The valve shall be designed in such a manner 
that the water flow remains ' on ' without requiring the use of the opera- 
tor's hands. The valve shall be capable of remaining activated until 
intentionally shut off. The valve shall be simple to operate and go from 
^ of ' to ^ on ' in 1 second or less. The valve shall, be corrosion-resistant to 
potable water. The valve actuator shall be large enough to be easily located 
and operated by the user, 

6.3 Testing 

6.3.1 Connect a flow-meter to eyewash to be tested or provide other 

means of measuring water, flow. 

6.3.2 Attach the plumbed unit to a 1'3-cm. supply line of water 196 kPa 
( 2 kgf/cm2 ) flow pressure. - 

6.3.3 Open the valve on the eyewash unit, verify that it opens in 
I second and stays open. 

6.3.4 Using the flow meter or other means, determine that the rate of 
flow is at least 10 I/min and the flushing, steams rise to approximate .equal 
heights and the water washes the eyes and face at a velocity low enough 
so as not to be injurious. 

V 

12 
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6.4 Maintenance and Training 

6*4,1 Eye/face wash units shall be activated weekly to flush the line and 
to verify proper operation. 

6, 4*2 Individuals shall be trained in the proper use of emergency eye/ 

face wash units. 

7. COMBINATION SHOWER AND EYEWASH OR EYE/FACE 
FOUNTAIN ' 



SUPPLY 




Fig. 4 Comb r nation of Shower and Eyewash 
13 
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7.1 Performance Requirements for Combination Units — Combi- 
nation units {see Fig, 4 ) shall be designed so that all components can be 
operated individually from a common fixture supply line. Showers shall 
meet performance requirements of 4. Eyewash units shall naeet perfor- 
mance requirements of 5. Eye/face wash units shall meet performance 
requirements of 6. 

8. MARKING AND PACKING 

8.1 Marking — Each emergency showers, eye and face fountains and 
combination units shall be marked with manufacturer's name or recogni- 
zed trade-mark if any, designation a'nd any other mark ^Qf identification 
desired by the purchaser. ^ 

8.1.1 The product may also be marked with Stafidard Mark. ^ 



8.1.2 The use of the Standard Mark is governed by the provisions of the Bureau 
of Indian Standards Act, 1986 and the Rules and Regulations made thereunder. 
The details of conditions under which the licence for the use bf Standard Mark 
may be granted to manufactures or producers may be obtainecf from the Bureau 
of hidian Standards. 

? < 
8.2 Packing — Each emergency showers, eye and faccP' fountains and 
combination units shall be packed as agreed to betweek the purchaser 
and the supplier. *^V 
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( Ministry of Defence ), Calcutta 
Shbi S. S. Salodkab Goal India Ltd, Calcutta 

Shbi S. D. Shroff Pradeep Safety Pvt Ltd, Bombay 

Shbi M. D. Shroff {Alternate ) 
Shbi D. K. Sirkar Synthetics and Chemicals Ltd, Bareilly 

Shi^i p. R. SiTEENDBANATHAisr Directorate General of Factory Advice Stu-vice 

and Labour Institutes, Bombay 
Shri M, K. Malhotba ( Alternate ) 
Shri Fbaitcis Leslie Vaz Francis Leslie & Co, Bombay 

Shbi Heathcxiff Vaz ( Alternate ) . 
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